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ACTUAL 
QUANTITY 


0 GAL 


104 GAL 


68 GAL 


533 GAL 


293 GAL 


68 GAL 


375 GAL 


0 LBS 


16 LBS 


58 LBS 
12 GAL 


8 LBS 


8 LBS 
4 GAL 


5 LBS 
1,158 LBS 


828 LBS 


2,271 LBS 


153 LBS 
368 GAL 


34 LBS 


ALLOWABLE QUANITY 


30 GAL OF 1-A LIQUIDS PER TABLE 
3404.3.4.1 


1,600 GAL OF l-B THRU lll-A LIQUIDS 
PER TABLE 3404.3.4.1 


13,200 GAL PER TABLE 3404.3.4.1 


2,300 LBS (230 GALS) PER TABLE 
2703.11.1 


4,500 LBS (450 GALS) PER TABLE 
2703.11.1 


36,000 LBS (3,600 GALS) PER TABLE 
2703.11.1 


UNLIMITED PER TABLE 2703.11.1 


UNLIMITED PER TABLE 2703.11.1 


200 LBS PER CHAPTER 38, SECTION 
3809.9. 

10,000 LBS OF LEVEL 2 & 3 
AEROSOLS TABLE 2806.2.1- 
PROTECTED < 8', NOTES B & C 


UNLIMITED PER CHAPTER 28 


19,500 LBS (1,950 GALS) PER 
2703.11.1 


2,000 LBS (200 GALS) PER TABLE 
2703.11.1 
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HAZARDOUS MATERIALS FLOOR PLAN 


SCALE: 1" = 20' 


10' 20' 


40' 


1. AEROSOL PRODUCTS ARE ONLY STORED ON THE 
GROUND FLOOR. 

2. PER SECTION 2804.7, TABLE 2804.7-NOTE A, 
THE TOTAL AGGREGATE QUANTITY ON DISPLAY AND 
IN STORAGE MUST NOT EXCEED THE MAXIMUM 
RETAIL DISPLAY QUANTITY INDICATED IN SECTION 
2806.3. 

3. PER SECTION 2806.4, TABLE 2806.4, 2,500 
LBS. IS THE MAXIMUM STORAGE QUANTITY FOR 
STORAGE AREAS ADJACENT TO RETAIL DISPLAY OF 
LEVEL 2 AND LEVEL 3 AEROSOLS. THEN UPON 
APPLICATION OF NOTE A; THE MAXIMUM AGGREGATE 
QUANTITY IN STORAGE AND RETAIL DISPLAY MUST 
NOT EXCEED THE QUANTITY LIMITS FOR RETAIL 
DISPLAY. 

4. AT 4,154 LBS. MAXIMUM QUANTITIES OF LEVEL 
2 AND/OR LEVEL 3 AEROSOLS DO NOT EXCEED 
THE 10,000 LBS. (PER 25,000 SF RETAIL DISPLAY 
AREA) PERMITTED WITHIN SECTION 2806.2, TABLE 
2306.2.1 < 8' AFTER APPLICATION OF NOTE'S B & 
C FOR RETAIL DISPLAY. 

5. NO SINGLE 10'-0" X 10'-0" OF DISPLAY AREA 
MAY CONTAIN AN AGGREGATE QUANTITY OF MORE 
THAN 1,000 LBS. NET WEIGHT OF LEVEL 2 
AND/OR LEVEL 3 AEROSOL PRODUCTS. 

6. LEVEL 2 & LEVEL 3 AEROSOL CONTAINERS 
MUST NOT BE STACKED MORE THAN 6'-0" HIGH 
FROM THE BASE OF THE AEROSOL ARRAY TO THE 
TOP OF THE AEROSOL ARRAY UNLESS THE 
CONTAINERS ARE PLACED ON FIXED SHELVING OR 
OTHERWISE SECURED IN AN APPROVED MANNER. 
WHEN STORAGE OR RETAIL DISPLAY IS ON 
SHELVES, THE HEIGHT OF SUCH STORAGE OR 
RETAIL DISPLAY TO THE TOP OF THE AEROSOL 
CONTAINERS MUST NOT EXCEED 8'-0". 

7. AEROSOL PRODUCTS IN RETAIL DISPLAY AREAS 
MUST BE REMOVED FROM COMBUSTIBLE CARTONS 
OR SHALL BE "DISPLAY CUT"; CONSISTING OF THE 
BOTTOM PANEL AND NOT MORE THAN 0'-2" OF 
THE OUTSIDE PANEL. 

8. AISLES OF NOT LESS THAN 4'-0" IN WIDTH 
MUST BE MAINTAINED ON THREE SIDES OF THE 
RETAIL DISPLAY AREA CONTAINING THE AEROSOL 
PRODUCTS. 

9. A MINIMUM ORDINARY HAZARD GROUP 2 
DESIGNED WET PIPE AUTOMATIC SPRINKLER SYSTEM 
MUST BE PROVIDED TO PROTECT ALL INTERIOR 
AEROSOL STORAGE AND DISPLAY AREAS. 

10. INCIDENTAL DISPLAY OF AEROSOLS WILL BE 
FOUND THROUGHOUT THIS RETAIL STORE, WHICH 
WILL COMPLY WITH NFPA 30B, CHAPTER 7, 
SECTION 7.1.3.2, MUST NOT EXCEED 1,000 NET 
WEIGHT IN ANY 100 SF AREA AND WILL NOT 
EXCEED 2 LBS./SF OF TOTAL DISPLAY AREA. 
CEILING SPRINKLER PROTECTION MUST BE 
PROVIDED IN ACCORD WITH NFPA 30B, SECTION 
7.1.3.2 AND 7.1.3.2.1. 


CALIFORNIA FIRE CODE 
CHAPTER 27 NOTES 


RETAIL AND WHOLESALE STORAGE & DISPLAY 
SECTION 2703.11: 

1. GENERAL: THE AGGREGATE QUANTITY OF 
NONFLAMMABLE SOLID AND NONFLAMMABLE OR 
NONCOMBUSTIBLE LIQUID HAZARDOUS MATERIALS 
STORED AND DISPLAYED WITHIN A SINGLE, 
INTERIOR CONTROL AREA OR OUTDOOR CONTROL 
AREA IS ALLLOWED TO EXCEED THE MAXIMUM 
ALLOWABLE QUANTITY PER CONTROL AREA 
INDICATED IN SECTION 2703.1 WHEN IN 
ACCORDANCE WITH SECTIONS 2703.11.1 THROUGH 
2703.11.3.10. SECTION 2703.11. 

2. MAXIMUM ALLOWABLE QUANTITY PER CONTROL 
AREA: THE AGGREGATE AMOUNT OF 
NONFLAMMABLE SOLID AND NONFLAMMABLE OR 
NONCOMBUSTIBLE LIQUID HAZARDOUS MATERIALS 
STORED AND DISPLAYED WITH A SINGLE CONTROL 
AREA MUST NOT EXCEED THE AMOUNTS SET 
FORTH IN TABLE 2703.11.1. SECTION 2703.11.1. 

3. MAXIMUM ALLOWABLE QUANTITY PER OUTDOOR 
CONTROL AREA: THE AGGREGATE AMOUNT OF 
NONFLAMMABLE SOLID AND NONFLAMMABLE OR 
NONCOMBUSTIBLE LIQUID HAZARDOUS MATERIALS 
STORED AND DISPLAYED WITHIN A SINGLE 
OUTDOOR CONTROL AREA MUST NOT EXCEED THE 
AMOUNTS SET FORTH IN TABLE 2703.11.1. SECTION 
2703.11.1. 

STORAGE AND DISPLAY SECTION 2703.11.3 

1. GENERAL: STORAGE AND DISPLY MUST BE 
INACCORDANCE WITH SECTIONS 2703.11.3.1 
THROUGH 2703.11.3.10. SECTION 2703.11.3. 

2. DENSITY: STORAGE AND DISPLAY OF SOLIDS 
MUST NOT EXCEED (200) POUNDS PER SQUARE 
FOOT OF FLOOR AREA ACTUALLY OCCUPIED BY 
SOLID MERCHANDISE. STORAGE AND DISPLAY OF 
LIQUIDS MUST NOT EXCEED (20) GALLONS PER 
SQUARE FOOT OF FLOOR AREA ACTUALLY 
OCCUPIED BY LIQUID MERCHANDISE. SECTION 
2703.11.3.1. 

3. HEIGHT: STORAGE AND DISPLAY HEIGHT SHALL 
NOT EXCEED 6-0" ABOVE FINISHED FLOOR IN 
DISPLAY AREAS. STORAGE HEIGHT MUST NOT 
EXCEED 8'-0" ABOVE THE FINISHED FLOOR IN 
STORAGE AREAS. SECTION 2703.11.3.2. 

4. CONTAINER LOCATION: INDIVIDUAL CONTAINERS 
LESS THAN (5) GALLONS OR LESS THAN (25) 
POUNDS MUST BE STORED OR DISPLAYED ON 
PALLETS, RACKS OR SHELVES. SECTION 
2703.11.3.3. 

5. RACKS AND SHELVES: RACKS AND SHELVES 
USED FOR STORAGE OR DISPLAY MUST BE 
INACCORDANCE WITH SECTION 2703.9.9. 

6. CONTAINERS TYPE: CONTAINERS MUST BE 
APPROVED FOR THE INTENDED USE AND IDENTIFIED 
AS TO THEIR CONTENT. SECTION 2703.11.3.5 

7. CONTAINER SIZE: INDIVIDUAL CONTAINERS 
MUST NOT EXCEED (100) POUNDS FOR SOLIDS OR 
(10) GALLONS FOR LIQUIDS IN STORAGE AND 
DISPLAY AREAS. SECTION 2703.11.3.6. 

8. PER SECTION 2703.11.3.7, INCOMPATIBLE 
MATERIALS: INCOMPATIBLE MATERIALS MUST BE 
SEPARATED IN ACCORDANCE WITH SECTION 
2703.9.8 WHICH STATES THAT WHEN MATERIALS 
ARE IN CONTAINERS HAVING A CAPACITY GREATER 
THAN 5LBS (OR 0.5 GALS) SEPARATION SHALL BE 
ACCOMPLISHED BY: 

1. SEGREGATING INCOMPATIBLE MATERIALS BY 
A DISTANCE OF NO LESS THAN 20'-0" 

2. ISOLATING INCOMPATIBLE MATERIALS WITH A 
NONCOMBUSTIBLE PARTITION EXTENDING NOT 
LESS THAN 1'-6" ABOVE AND TO THE SIDES 
OF THE STORED MATERIAL 

3. STORING LIQUID AND SOLID MATERIALS IN 
THE HAZARDOUS MATERIALS STORAGE 
CABINETS 

4. STORING COMPRESSED GASES IN CABINETS 
DESIGNED FOR GAS STORAGE OR EXHAUSTED 
ENCLOSURES IN ACCORDANCE WITH 
SECTIONS 2703.8.4 AND 2703.8.5 

9. FLOORS: FLOORS SHALL ALL BE INACCORDANCE 
WITH SECTION 2704.12 WHICH STATES THAT, 
EXCEPT FOR SURFACING, FLOORS OF STORAGE 
AREAS SHALL BE OF NONCOMBUSTIBLE 
CONSTRUCTION. SECTION 2703.11.3.8 

10. AISLES: AISLES 4-0" IN WIDTH MUST BE 
MAINTAINED ON (3) SIDES OF THE STORAGE OR 
DISPLAY AREA/ARRANGEMENT SECTION 2703.11.3.9. 


CALIFORNIA FIRE CODE 
CHAPTER 34 NOTES 


1. FLAMMABLE AND COMBUSTIBLE LIQUIDS IN A 
GROUP M OCCUPANCY - "WHOLESALE AND RETAIL 
SALES USES", SHALL BE IN ACCORDANCE WITH 
CHAPTER 34, SECTION'S 3404.3.4, 3404.3.5 AND 
3404.3.6. 

2. QUANTITY LIMITS FOR STORAGE: PER TABLE 
3404.3.4.1: 

* CLASS IA = 30 GAL 

* CLASS IB, IC, II & IIIA = 1,600 GAL 

* CLASS IIIB = 13,200 GAL 

SECTION 3404.3.4.1. 

3. CONTAINER TYPE: CONTAINERS FOR CLASS I 
LIQUIDS MUST BE METAL. EXCEPTION: IN 
SPRINKLERED BUILDINGS, AN AGGREGATE QUANTITY 
OF 120 GAL. OF WATER-MISCIBLE CLASS IB & IC 
LIQUIDS IS ALLOWED IN NONMETAL CONTAINERS, 
EACH HAVING A CAPACITY OF 16 OUNCES OR 
LESS: SECTION 3404.3.6.1. 

4. CONTAINER CAPACITY: CONTAINERS FOR CLASS 
I LIQUIDS MUST NOT EXCEED A CAPACITY OF 5 
GALLONS; SECTION 3404.3.6.2. 

5. FIRE PROTECTION & STORAGE ARRANGEMENT: 
COMBUSTIBLE COMMODITIES MUST NOT BE STORED 
ABOVE FLAMMABLE OR COMBUSTIBLE LIQUIDS; 
3404.3.6.3 

6. FIRE PROTECTION & STORAGE ARRANGEMENT: 
STORAGE ON SHELVES MUST NOT EXCEED 6'-0" IN 
HEIGHT AND SHELVING MUST BE METAL; 
3404.3.6.3(1). 

7. FIRE PROTECTION & STORAGE ARRANGEMENT: 
MAXIMUM STORAGE HEIGHTS OF FLAMMABLE AND 
COMBUSTIBLE LIQUIDS MUST NOT EXCEED: 

* 4'-0" = CLASS IA 

* 8'-0" = CLASS IB & IC 

* 8'-0" = CLASS II 

* 12'-0" = CLASS IIIA & IIIB 

UNLESS STORED IN RACKS AND PROVIDED WITH 
IN-RACK SPRINKLER PROTECTION. 


NOTE: WHILE THIS IS THE INITIAL DISPLAY AREA 
FOR THESE PRODUCTS. INCIDENTAL AND SEASONAL 
VARIATIONS WILL OCCUR THROUGHOUT THIS RETAIL 
STORE. THIS PLAN IS NOT INTENDED TO LIMIT OR 
RESTRICT THE MERCHANDISING IN THE STORE. 


STORE LOCATION: 
WNM #6530 
4420 FLORIN RD 
SACRAMENTO, CA 
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